GENERAL NOTES ONS 


1, ABBREVIATIONS TO BE IN ACCORDANCE WITH MIL-STD-12D EXCEPT AS FOLLOWS: 


P/S = PORT & STBD 
N&F = NEAR & FAR UF = LINEAR FEET 
SCBA = SELF CONTAINED BREATHING APPARATUS 


2. QUANTITIES GNEN IN PARTS LIST ARE FOR ONE SHP SET ONLY. 
ZX: 5, Frew’ OUTrT, (TEM #4), SHALL COMPLY W/ 46CFR 195.35-FREMAN'S OUTFIT & SHALL STOW THE FOLLOWING: 
(QUANTITY OF ONE EACH EXCEPT AS NOTED) 


FIREMANS SUIT (OUTER SURFACE TO BE WATER RESISTANT) 
FIRE AX W/A NONCONDUCTIVE HANDLE 
SELF CONTAINED, BREATH BREATHING APPARATUS (PRESSURE DEMAND, OPEN CIRCUIT TYPE) 


17. EACH DAMAGE CONTROL LOCKER SHALL BE PROMIDED WITH THE ITEMS LISTED BELOW: 
FIREMAN’S SUIT OUTFIT, SET OF 2 REQUIRED, SEE GN #3. 


B-11 C02 FIRE EXTINGUISHERS (6 PER LOCKER, PART OF SPARES COMPLEMENT) 

B-11 DRY CHEMICAL FIRE EXTINGUISHER (2 PER LOCKER, PART OF SPARES COMPLEMENT) 
FIRE HOSE (2) 

GROUNDING 


wo 

METAL PATCHES (4 VARIOUS SIZES) 

DC SHORING (4 VARIOUS SIZES) 

PORTABLE ELECTRIC FRE & DENATERING PUMP 
EEBO'S (3 PER ACCOMMODATION AREA seRvED) /}* 


18. A COPY OF THE FIRE CONTROL PLAN SHALL BE SUPPLIED TO EACH OFFICER. ONE COPY OF THE PLAN SHALL AT ALL TIMES BE 
‘AVAILABLE ON BOARD IN AN ACCESSIBLE POSITION. ANOTHER SET OF THE PLAN SHALL BE PERMENANTLY STORED IN A PROMINENTL\ 
NTHERTIGHT ENCLOSURE OUTSIDE THE DECKHOUSE FOR THE ASSISTANCE OF SHORE-SIDE FIRE FIGHTING PERSONNEL. 


19. SPACES COVERED BY THE FIXED CO2 SYSTEM INCLUDE THE MAN MACHINERY ROOM (UPPER AND LOWER), AUXILIARY MACHINERY 
SPACE, TRASH ROOM, PAINT/HAZMAT STORAGE LOCKER, EMERGENCY GENERATOR ROOM, AND THE PROPULSION MOTOR ENCLOSURES (2). 


A 


STEEL OR BRONZE UFELINE (NO LESS THAN 100 LF W/A MINIMUM BREAKING STRENGTH OF 1,500 LBS.) 
SPARE CYLINDERS W/WALKAWAY BRKT SHALL BE CARRIED FOR EACH SCBA, AND A COMPLETE SET OF SPARE BATTERIES SHALL BE CARRIED 


FOR EACH FLASHLIGHT. 


‘THE SPARES SHALL BE STOWED IN THE SAME LOCATION AS THE EQUIPMENT IT IS TO REACTIVATE. LOCATION OF OUTFIT 


‘SHALL BE CLEARLY MARKED, 


R 4. SPARE FIRE EXTINGUISHERS SHALL BE STOWED IN MMR UPPER LVL (4-49-0), DAMAGE CONTROL LOCKERS (01-10-0 & 02-53-2). 


5, ALL BULKHEADS WITHIN THE ACCOMMODATION & SERVICE SPACES REQUIRED TO BE "B” CLASS DMSION BULKHEADS SHALL EXTEND FROM 

DECK TO DECK AND TO THE SHELL OR OTHER BOUNDARIES, UNLESS "B” CLASS CEILINGS OR LININGS ARE FITTED ON BOTH SIDES OF THE 

BULKHEAD. IN WHICH CASE THE BULKHEAD MAY TERMINATE AT THE CONTINUOUS CEILING OR LINING. 

6. ALL ITEMS IN PARTS LIST CAN BE SUPPLIED BY MANUFACTURERS SHOWN OR EQUAL VERIFY WITH REFERENCE DRAWING FOR LATEST QUANTITIES. 
ZX 1. = INOKATES PRIMARY ESCAPE ROUTE, am o> INDICATES SECONDARY ESCAPE ROUTE. 


8. EACH FIRE STATION WILL BE NUMBERED IN RED LETTERS TWO (2) INCHES HIGH. 
9. EACH HAND PORTABLE FIRE EXTINGUISHER SHALL BE MARKED WITH A NUMBER & THE LOCATION WHERE STOWED AND SHALL BE MARKED 


CORRESPONDING NUMBER AT LEAST 1/2” HIGH. 
10. SOLAS HOSE REQUIREMENTS ARE AS FOLLOWS: 


10M MINMUM LENGTH & NOT MORE THAN 15M IN MACHINERY SPACES. 

‘20M IN OTHER SPACES AND OPEN DECKS. 

CFR REQUIRES 50'-0" (15M). MOST RESTRICTVE REQUIREMENT SHALL COMPLY. 

INTERIOR LOCATIONS WILL BE SIAMESE CONNECTIONS FOR 1 1/2° HOSE. EXTERIOR LOCATIONS WILL BE 2 1/2” HOSE. 


11, ITEMS NORMALLY MOUNTED TO BHDS IN COMPANIONWAYS (FIRE ALARM PULL, EMERGENCY SHUTDOWN, ETC.) SHALL BE RECESSED INTO 
BHO WHERE PRACTICAL TO MAINTAIN PASSAGEWAY REQUIREMENTS. THIS APPLIES ONLY TO ITEMS MOUNTED AT OR BELOW HEAD HEIGHT 
REQUIREMENTS. ITEMS IN MACHINERY SPACES ARE NOT REQUIRED TO BE RECESSED INTO BHD. 


12, ELECTRICAL FANS, DAMPER LOCATIONS, QUANITIES, ETC. OF EACH ARE TO BE VERIFIED BY VENDOR/SUBCONTRACTOR. 


13. PORTABLE FIRE EXTINGUISHERS SHALL COMPLY WITH THE APPLICABLE REGULATORY/CLASSIFICATION REQUIREMENTS. 


14, PORTABLE FIRE EXTINGUISHERS SHALL 
EXTERNAL FACTORS. 


BE SITUATED READY FOR USE AT EASILY VISIBLE 
‘ANY TIME IN THE EVENT OF A FIRE, AND IN SUCH A WAY THAT THEIR SERVICEABILITY 


PLACES, WHICH CAN BE REACHED QUICKLY AND EASILY AT 
'S NOT IMPAIRED BY THE WEATHER, VIBRATION, OR OTHER 


FED RE EAA SYSTEMS AEIEIIY (ESP. CREATING DENCES SHALL COMPLE RIT HE OPURIOLE: FEALATORY/CUSSHICATIO' 


16. IF FIRE AXES ARE NOT LOCATED IN THE OPEN, OR BEHIND GLASS SO THAT THEY MAY BE READILY SEEN, THEY WAY BE PLACED IN ENCLOSURES 
TOGETHER WITH THE FIREHOSE PROVIDED SUCH ENCLOSURES ARE MARKED AS REQUIRED BY 46CFR 196.37-15 FIREHOSE STATIONS. 


| 6] 03 LEVEL & 04 LEVEL KEY PLANS 
[S| 01 LEVEL & 02 LEVEL KEY PLANS 
2ND DECK & MAIN DECK KEY PLANS 
| 3| INNERBOTTOM & TANKTOP KEY PLANS 
| 2| TABLE OF SYMBOLS 
DRAWING INDEX 
8 


SEE REF 3 FOR ADOMONAL DETAILS. 

‘20. SPARES SHALL BE CARRIED FOR 100 PERCENT OF EACH SIZE AND EACH VARIETY OF HAND PORTABLE FIRE EXTINGUISHERS. 

21, DOORS & HATCHES SHALL HAVE THE SAME FIRE INTEGRITY AS THE BULKHEAD OR DECK IN WHICH THEY ARE INSTALLED UNLESS 

NOTED OTHERWISE. 

22. THE SYMBOL USED FOR ITEM #32 & 33 IN THE DRAWING, INDICATES CTY (2) FOR ITEM 32 AFFF CONC. PAILS, AND QTY (1) FOR 

TEM 33 EDUCTOR W/PICKUP TUBE. EDUCTORS LOCATED IN DOMESTIC EQPT RM (3-39-01) AT FIRE STATION NO 3, ACCESS (2-15-2) 
9 THREADS 


& WET LAB (1-58-0) SHALL BE 1 1/2” NHT WITH PER INCH. EDUCTOR LOCATED BY EMERGENCY GENERATOR RM 
(01-54-0) AT FIRE STATION NO 17 SHALL BE 2 1/2° NHT AND SHALL HAVE 7 1/2 THREADS PER INCH. 


a 
2 2 Sone __| a-smo-sot_ 
[ 6 | STRUCTURAL DOORS, HATCHES & MANHOLES-KEY PLAN & SCHEDULE| w282-167-FHE2 —_| 


RESERVATIONS 


AS[s [eng ro 


STATEROOMS AND STORE” SPACES, AND EXERCISE ROOM 2-191; 
‘ADDED THREE EEBD'S IN EACH OF THE PASSAGEWAYS (2-24-0, 
2-29-0, 2-39-01) THAT SERVES THE CREW STATEROOMS; ADDED 
‘AN ADDMONAL EEBO TO THE EOS. DELETED FIRE EXT. FROM 
SCIENTIFIC STORES 2-11-0, EXERCISE RM, MAN MACH'Y RM 
4-48-0, EOS 2-63-0, OCEANOGRAPHIC WINCH RM 3-68-0 AND 
TRAWL WINCH RM 3-82-0. DELETED SPARE FIRE EXT. STOWAGE IN 
OCEANOGRAPHIC WINCH RM. 


5. SH 4, KEY PLAN 30-C: RELOCATED EEBD'S IN GALLEY 1-19-1 
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PUAN 37-A: DELETED ALL EEBO'S FROM STATEROOMS: 
‘ADDED EEBD'S (GTY-3) TO DC LOCKER 01-10-0 10 
ACCOMMODATION SPACES ON 01 LEVEL. DELETED FIRE EXT. 
MACH'Y RM 01-10-2. RELOCATED FIRE EXT. FROM 
PASSAGE 01-19-0 (FWD). DELETED FIRE EXT. SPARES 
SS 01-51-2. ADDED EEBO'S AS PART OF DC LOCKER 


22298. 
“uh : 


ae 
7 
: 
ze 
i 
z 
Z 


9. SH 1, GENERAL NOTES: REVISED NOTE #4 TO DELETE STOWAGE 
OF FIRE EXTINGUISHERS IN THE OCEANOGRAPHIC WINCH ROOM 
3-68-0 AND ACCESS 01-51-2. 


TEMS 1 THRU 9 PER ENGINEERING DEVELOPMENT (REDUCE 
QUANTITIES OF EEBD'S AND FIRE EXTINGUISHERS TO REGULATORY 


1, SH 1: EXTENDED HULL APPLICABILITY TO INCLUDE HULL 1956. 


2. SH 4, KEY PLAN 30-C: DELETED 2 FIRE DAMPERS FROM FAN 
ROOM 1-16-1. 


3. SH 5, KEY PLAN 37—A: DELETED ALL BUT ONE FIRE DAMPER 
FROM FAN ROOM 01-37-0. 


4. ALL SHEETS: UPDATED GRAPHICAL SYMBOLS TO SUIT LATEST IMO 


RESOLUTION A952 (23) DATED 23 FEBRUARY 2004; AND CHANGED 
UNE AND FONT COLORS TO SUIT COLOR PLOTTING FOR VESSEL 
POSTING. 


5. SH 2, FIRE DAMPER LIST: DELETED FIRE DAMPERS PER REVISION 
MEMS 2 AND 3. 


MEMS 1 THRU 5 PER ENGINEERING DEVELOPMENT. 


VT Halter Marine, Inc. 


Vision Technologies 


AGE FH 
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"|= 


FIRE CONTROL PLAN 


FAOS|** 1 | 
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Tice eee fee] 
‘SHEET TO ACCOMMODATE REVISION BLOCK CONTINUATION. 

‘2. ALL SHEETS: ADNUSTED SHEET COUNT ACCORDINGLY ON ALL 

DRAWING SHEETS TO SUIT NEW SHEET. 

3. SH 5, KEY PLAN 37-A: RELOCATED SIDE SAMPLING STATION 

re CO OS J-1 AFT. REVISED EVACUATION ARROWS TO 


1. REVSED OVERALL DRAFTING LAYOUT FOR CLARET ON ALL SHEETS.| 05/09/06 | 5/17/06 
2. REVISED CAGE CODE NUMBER IN TITTLE BLOCK ON ALL SHEETS. 
NUMBER OF REF. #5; WAS FAQS IS FAO7. 
EQUIPMENT LEGEND. 
1 UPDATED DESCRIPTION 
j AND 2,4,5,16, 
|. ALL MEMS MODIFIED TO REFLECT IMO 
PORTABLE. FIRE EXTINGUSSHER TO 
EXTINGUISHER 
& IN COMPUTER LAB, CHEMESTRY LAB, DRY 
REVISED QTY OF ITEM 6,7 & 8 IN LEGEND. 
10. DELETED MEM 34 ON O3 LL. 
Hsu. goed waco oF oT. cosa. {TS RELEVENT 
6 SHUT DOWN’ CONTROLS ON 2ND OK & 03 LL. 
‘12. ADDED RELOCATED FED MSSNG ITEMS THROUGH OUT ONG 
A eek IS BY 
13 OED "NAL 156" UL ASUIBLTY To SOUTE 
M282 HULL 1953 AS PER ENG. DEVELOPMENT. 
6450114, ADDED MTEM 46, HORN/STROBE LIGHT ON O4 LEVEL. 
TEM 1 THRU 12 PER US.C.G. LETTER DATED MARCH 21, 2006 & 
AS-BUILT (WALK THROUGH) 


00) 1. SH 1, THIS REVISION REFLECTS AS-BUILT CONDMONS FOR 
HULL 1953. 


2. SH 2, FIRE CONTROL EQUIPMENT LEGEND, REVISED OVERALL 


EEE, ih 


280} QUANTITY OF ITEM 7, COZ FIRE EXTINGUISHERS, AND ITEM 8, DRY 
CHEMICAL FIRE EXTINGUISHERS. 


20] 3. SH 4, KEY PLAN 30-A & 30-C, UPDATED DOOR SWINGS AND 
LOCATIONS TO MATCH AS—BUILT CONDMON. 


4. SHS, KEY PLAN 37-A & 37-C, UPDATED DOOR SWINGS AND 
LOCATIONS TO MATCH AS—BUILT CONDMON. 
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DAMAGE CONTROL LOCKER EQUIPMENT LIST 
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FIRE CONTROL EQUIPMENT LEGEND 
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| 4 | THERMAL PROTECTIVE AID/FIREMAN'S OUTFIT (SEE GN. 3) 
| [s|-| MANUALLY OPERATED CALL POINT (PULL STATION) (FOR QTY SEE REF 2) 
[Els l elmer sm | 
AA_| (QUANTITY INCLUDES 1 SPARE) 
RE EXTINGUISHER, C02, 15, B-l 
b INCLUDES 22 SPARES) 
t FIRE EXTINGUISHER, DRY CHEMICAL, 10f, B-II 
q INCLUDES 19 SPARES) 
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GENERAL STORES, LOCKED 
STORES, DOMESTIC GENERAL STORES, 
EQUIPMENT ROOM 
GENERAL STORES, LOCKED 
STORES, DOMESTIC 
taos | EQUIPMENT ROOM 


| ez | BOW THRUSTER ROOM 
OCEANOGRAPHIC ogenocnAe 
Cc WINCH ROOM 
| soe | TRAWL WINCH ROOM 20M, 
| coe | were | ate | 
1-58-0 
WET LAB 
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Re CONTROL PLAN (STOW IN TUBE IF LOCATED IN WEATHER) 
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FYREPEL ATTACK SERIES TURNOUT GEAR (2 MED 


GLOVES (2 LG & 2 XL), OR EQUAL. 
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SWZE 10 & 2- SIZE 11), OR EQUAL. 
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‘APPARTUS, 
MINUTE AIR SUPPLY (MSHA/NIOSH APVD) 
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FLAME SAFETY LAMP (CFR SUBCHAPTER Q, 


MN_DK HEADS, ACCESS 


ENGINEER'S WORKSHOP 


SUBPART 160.016 COMPLIANT) 


UFELINE, 100° LONG, 1500f MINIMUM BREAKING 
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CMC PROSERIES CLASS IN| CONFINED SPACE 
RESCUE HARNESS (2 MED & 2 LG), OR EQUAL. 


EACH END FITTED W/A HOOK WITH KEEPER 
HAVING A THROAT OPNG OF AT LEAST 5/8” 
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SAFETY HARNESS: 
WAND 
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CHEMISTRY LAB 90 GPM, 60 FT HEAD, SS CONSTRUCTION 


FAO5|*2 | 


CHEMISTRY LAB PASSAG| 
FUME HOOD 1-36-0 


FIRE EXTINGUISHER, 10f DRY CHEMICAL, BH 
(W/woUNTING BxTS) 


FIRE EXTINGUISHER, 15f C02, B-lI (W/MOUNTING| 
BKTS) 


FIRE HOSE, 1 1/2°x75" LONG 


E07 
E14 
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[ 32 [12 | AFFF FOAM CONC PAIL (SEE GN. 22) 
L.| 33. | 3 | AFFF FOAM NOZZLE WITH EDUCTOR (SEE G.N. 22) 
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PRIMARY ESCAPE ROUTE 


[am | seoonontr ESCAPE ROUTE 
| far | 45 | - | rare OPER -MACHINERY SPACE- (FOR QTY SEE REF 8) 
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FIRE EXTINGUISHER, C02, 15f, B-l 
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KEY PLAN 30—C A AAO" A ADR 
MAIN DECK (8650mm ABL) || 25 [pressure oreRATED SIREN COZ SYSTM = OPERATED SIREN CO2 SYSTEM 
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33__AFFF FOAM NOZZLE WITH EDUCTOR (SEE GENERAL NOTE 22) 
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ESCAPE LEGEND Z& SUBDIVISION LEGEND 
[sa] vescmPnon DESORIPTON 
[ap | Prin escare ROUTE 
[am | seoononer ESCAPE ROUT 
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ZX FIRE CONTROL EQUIPMENT LEGEND 
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| 2 | FRE LOCKER/OWMAGE CONTROL LOCKER (SEE GN.17 FOR CONTENT) 
[S|PREAME 
| + | THerwa. PROTECTIVE AO/FREMAN'S OUTHT (SEE GN. 3) 
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